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I have inspected many works, and in all my
experience I have never yet seen a well-organised
works, laid down on economical lines, which has
come to a stand ; and it is to be inferred that a well
organised works must necessarily possess a good
manager, I visited a works a short time since,
which had lost heavily the last few years, and had
come to a stand. Of a group of four boilers, there
were three good boilers (new), gauged up to 200 Ibs.
pressure, and the third was a smaller, second-hand
boiler (I presume bought at a low price), gauged up
to 150 Ibs., and I suppose 100 Ibs, would be the
safe line for working.

All four boilers were coupled together!

The boiler flues were minus the usual cross-tubes,
which effect so great an economy in the fuel.

The engines were in all parts of the works, one
being quite 300 yards from the boilers, and this was
the largest engine amongst them ; another engine
was 250 yards away, and another 200 yards, and all
the steampipBs were uncovered !

Four expensive Cameron pumps had been laid
clown, one for each boiler, whereas one would have
sufficed with an efficient injector on each boiler.

The old type of annealing furnaces were in use,
using coal, instead of slack or very small coal.

No waste heat from the annealing or heating
furnaces was utilised for steam raising purposes.

The means of transport from one part of the